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1. INTRODUCTION 

AC power sources are frequently needed in industry to operate devices, with different amplitude and 
frequency from that provided by the grid. A power electronic circuit known as a three-phase AC-AC 
converter is used to convert a fixed AC voltage to a variable AC voltage with adjustable frequency. Some 
common applications of such converter that are widely used in industry include adjustable-speed drives, 
AC-—AC transmission, uninterruptible power supplies (UPS) and renewable energy conversion systems [1]. 
However, the variable speed drive systems for induction motors constitute an important area of AC-AC 
conversion sue to the fact that it currently accounts for about 50% of electricity consumption [2]. The most 
popular of approach for AC-AC converter modelling involves the use of a DC-link component by employing 
either a capacitor (as a DC voltage source) or an inductor (as a DC current source). This type of converter is 
widely used in industry and is known as an indirect frequency converter with a DC energy storage element, 
and has been investigated extensively for many years [3]. This AC-AC converter has the main advantage that 
both rectification and inverter are largely separated for control process. On the other hand, the approach has 
inherent drawback of having DC link energy storage component that is relatively large in physical volume. 
To address the aforementioned issue with the physical size of the DC link component, some researchers have 
developed other types of AC-AC converters without using the DC-link component. These converters are 
called a direct power-frequency converter. There are many direct power frequency converter topologies with 
the most common one is the Matrix Converter (MC). This converter has no DC energy storage elements and 
basically consists of an array of static power switches connected between the source and load terminals. For 
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good performance direct frequency converters must have small capacitors and inductors, such as those used 
in their high frequency component filters or small regenerative AC energy storage. However MC has some 
disadvantages. The voltage transfer ratio is limited to 0.866 to obtain sinusoidal output waveforms [4-6]. 
It also requires more semiconductor devices compared to conventional AC—AC indirect converters. 
Moreover, MC is sensitive to disturbances at the input voltage to the system [7]. The MC has been observed 
to possess higher level of Total Harmonic Distortion (THD) compared to indirect converters [8]. 

To accomplish the most desirable operation, the AC-AC converters must be able to generate load 
voltages with arbitrary amplitude and frequency, produce sinusoidal source and load currents further 
implying the provision of unity power factor for any load, accommodate bidirectional power flow through the 
converters, and finally a simple and compact power circuit [9]. Various methods are used by researchers to 
improve power factor, regulate inverter output voltage and maintain DC voltage at the desired value. The 
researchers previously used filters on the network side to obtain unity power factor [10, 11]. There are also 
researchers who use the technique of nonlinear backstepping control [12, 13], combined PID and PI Control 
[14] and Voltage Oriented Controls (VOC) with estimation of active power and reactive power [15]. while 
the control method of this paper only consists of a PI control to maintain a stable DC voltage and unity power 
factor control so the model of the AC-AC converter becomes simpler. 

This paper describes a proposed three phase AC-AC converter to convert 220 Volts, 50 Hz input 
into a variable voltage from 120 to 300 Volts with variable frequency from 20 Hz — 60 Hz which have never 
been discussed in previous papers. This converter belongs to the indirect converter type and it is suitable to 
operate asynchronous motors (induction motors) with various loads where expected speed, thus frequency 
and variable voltage are needed. The proposed AC-AC converter is equipped with power factor controller to 
keep a unity power factor and obtain sinusoidal input current from the grid as well as sinusoidal ouput 
current. The converter offers high efficiency because it uses Space Vector PWM (SVPWM,) to handle the 
pulse width modulation in its IGBT switch components. 


2. MODEL OF AC-AC CONVERTER 
2.1. Proposed AC-AC converter model 

Figure 1 shows the proposed three Phase AC-AC converter model. The converter is an indirect 
converter with DC-Link capacitor as the energy storage element. The converter model consists of a rectifier, 
DC-Link capacitor and an inverter that implements the Space Vector Modulation (SVM) technique. The 
SVM control technique is used for both the rectifier and inverter feeding the induction motor. The SVM 
technique is chosen due to its more prevalent use than all other conventional techniques as the technique 
offers improved DC bus utilization, lower harmonics, less switching losses, and higher overall converter’s 
efficiency [16]-[19]. The main task of the SVM technique is to calculate the duty cycles and define the 
switching pattern. 

In the proposed converter and as illustrated in Figure 1, the novelty lies on the unity power factor 
control employed in the converter that will maintain the input power factor to the rectifier stage close to one. 
Consequently, the power factor control keeps the source current in the same phase as the voltage. 
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2.2. Unity power factor control 
Unity power factor occurs when the difference between voltage angle Oy and current angle 0; is zero 
degrees. In other words, it is established when voltage and current waveforms are in phase. 
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Figure 2. Equivalent circuit of the converter from the ac source side 


The current regulator can be realized by making a calculation process to generate the desired PWM 
voltage, so that the current flowing in the inductor can be determined, as shown in Figure 2. In a power 
converter, if it is assumed that the sampling period is Ts, the inductor resistance is negligible, and the source 
input voltage at the sampling interval is considered constant, then the current flowing in the inductor can be 
determined according to the equation as follows: 


Ai i(t +T )—i(lt, ) 
V(t) -Voyy (t) = LÆ = Lr e NVa (1) 
(t) -Vow (0) =L- T 
where: V(t, )is the source voltage at t = tn 
Vpwy (t, ) is the PWM voltage on the AC side of the converter 
Equation (1) can be written as: 
be 
Vows Ga) =V) -r EE, +T) HG] (2) 


S 


Here it appears that the magnitude of the inductor current that will flow at time t = tn + Ts can be 
determined by giving the PWM voltage according to the instantaneous current equation proportional to the 
voltage. This current setting provides the possibility to obtain a sinusoidal current waveform with a power 
factor equal to one. If the current is a sinusodal and has a phase equal to its voltage, then the reference current 
may be defined as: 


i(t, +T )=kV(t, +T) (3) 


where k is a constant whose magnitude depends on the current to be streamed. This reference 
current does not change rapidly compared to the sampling period. Therefore, the current can be predicted 
through the previous value approach, as shown in Figure 3, as: 


it, +T.) ~ i(t) + dohiy (4) 
Or i(t, +T,) = 2i(t,)- i(t, -T,) (5) 


according to equation (3), the reference current of equation (5) can be expressed as follows: 


i(t, +T,) © 2kV(t,)-kV(t, -T,) © 
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By combining equations (2) and (6), the reference voltage can be obtained as: 


| 2kL kL L 
V(t,) =d-—w(t,) + VG, -T,) +—ilt 7 
(Z,,) = ( r” (Z,) T E, -T,) r (7) 


Equation (7) denotes the PWM voltage to be raised so that the current flowing in the inductor is 
k- V(t). Figure 4. shows the current regulator diagram of PWM converter with input voltage V(t), channel 
currenti(t), and k factor. This current regulator is realized in the calculation process by using a 
microprocessor, together with the PWM signal generation process. With the current regulator the current 
waveform will be the same as the voltage-shaped sinusoidal waveform and with the same phase. Figure 4 
illustrates the vector diagram of the system. 
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AC source side 


3. RESULTS AND DISCUSSION 

The proposed AC-AC converter performance is simulated with Matlab/Simulink software. In the 
simulation, the three-phase source voltage is set at 220 V/50 Hz, the DC voltage is 1000 Volts and the 
sampling frequency is 10 kHz. The desired AC output voltage varies with variable frequency and different 
load impedance. The simulation is done on the output voltage from 120 to 300 Voltswith output frequency 
being varied from 20 to 60 Hz, while observing the power factor, DC voltage and current, the output voltage 
and current waveforms. The rectifier in the simulation follows the requirements of three-phase voltage source 
220 V/50 Hz with amplitude V2 x 220 = 311 Volts, DC Voltage of 1000 Volts, and the sampling frequency is 
10 kHz. To evaluate the performance of the proposed converter, six different cases were simulated and 
analyzed. Previous researchers conducted evaluations of converter performance for only one case. Table 1 
list the inverter specifications for each of these cases. 


Table 1. Inverter specifications 


Output Amplitude Output 
cas ae Voltage Frequency Logi 
1 220 Volt 311 Volt 30 Hz 6 +j 8 ohm 
2 250 Volt 353 Volt 50 Hz 10 +j 10 ohm 
3 120 Volt 170 Volt 60 Hz 6 +j 8 ohm 
4 120 Volt 170 Volt 50 Hz 10 +j 10 ohm 
5 120 Volt 170 Volt 30 Hz 6 +j 8 ohm 
6 300 Volt 424 Volt 30 Hz 10 +j 10 ohm 


Case 1. DC voltage source 1000 Volts, voltage amplitude of inverter output 311 Volts, output frequency 30 

Hz and load impedance 6 + j 8 ohm. 

Simulation results are shown in Figures 5—8. Figures 5 and 6 show that DC Current and DC Voltage 
are both stable respectively with steady state DC voltage of 1000 Volts. The source current and voltage of the 
rectifier have the same phase as shown at Figure 7.,which results in unity power factor. The rectifier source 
voltage amplitude of 311 Volts at frequency 50 Hz is successfully converted to 311 Volts at 30 Hz frequency 
sinusoidal output waveform, as depicted in Figure 8. 
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Figure 7. Amplitude of voltage and current at input Figure 8. Amplitude of voltage and current at output 
of rectifier, case 1 of inverter, case 1 


Case 2. DC voltage source 1000 Volts, voltage amplitude of inverter output 353 Volts, output frequency 50 

Hz and load impedance 10 + j 10 ohm. 

Simulation results are presented in Figures 9 — 12. As observed in the previous case, the result 
shows stable DC current and DC Voltage at 1000 Volt as illustrated in Figures 9 and 10 respectively. The 
source current and voltage of the rectifier have the same phase, which again proves the unity power factor, as 
shown in Figure 11. The rectifier source voltage amplitude of 311 Volts at frequency 50 Hz is again 
converted well to 353 Volts at the same frequency 50 Hz, as seen in Figure 12, while the output current 
waveform is sinusoidal as desired. 
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Figure 9. DC current, case 2 Figure 10. DC voltage, case 2 


Modelling of three phase svpwm ac-ac converter using unity power factor control (Saidah) 


1828 O ISSN: 2088-8694 


“CS vollage (4) and 10°40 Current (7) 
AS voltage (9) and 1040 Curent (7a) 





ge (ec 
Figure 11. Amplitude of voltage and current at input Figure 12. Amplitude of voltage and current at 
of rectifier, case 2 output of inverter, case 2 


Case 3. DC voltage source 1000 Volts, voltage amplitude of inverter output 170 Volts, output frequency 60 
Hz and load impedance 6 + j & ohm. 
Simulation results as presented in Figures 13—16 again showstable DC current and DC Voltage at 
1000 Volt as illustrated in Figures 13 and 14 respectively. The unity power factor has also been achieved 
between the source current and voltage of the rectifier as shown in Figure 15. The rectifier source voltage 
amplitude of 311 Volts at frequency 50 Hz is converted to 170 Volts at the same frequency 60 Hz, as 
depicted in Figure 16. , while again achieving the desired sinusoidal output current waveform. 
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of rectifier, case 3 output of inverter, case 3 
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Case 4. DC voltage source 1000 Volts, voltage amplitude of inverter output 170 Volts, output frequency 50 

Hz and load impedance 10 + j 10 ohm. 

Simulation results are shown in the Figure 17—20. Figure 17 shows stable DC current and Figure 18 
shows DC voltage is stable at 1000 Volts. The source current and voltage of rectifier again shows that they 
are in phase as shown at Figure 19. The conversion of source voltage with amplitude of 311 Volts at 50 Hz 
takes place successfully to sinusoidal 170 Volts at 50 Hz as presented in Figure 20. 
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Figure 17. DC current, case 4 Figure 18. DC voltage, case 4 
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Figure 19. Amplitude of voltage and current at input Figure 20. Amplitude of voltage and current at 
of rectifier, case 4 output of inverter, case 4 


Case 5. DC voltage source 1000 Volts, voltage amplitude of inverter output 170 Volts, output frequency 30 

Hz and load impedance 6 + j 8 ohm. 

Results of this case are in agreement with the previous ones. As illustrated in Figures 21 and 22, 
both DC current and DC voltage are stable. The source current is also in phase with the source voltage of 
rectifier, making the input power factor unity, see Figure 23. Sinusoidal output waveform is achieved after 
the conversion of source voltage amplitude of rectifier at 311 Voltsand 50 Hz to 170 Volts at 30 Hz took 
place, as depicted in Figure 24. 
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Figure 24. Amplitude voltage and current at output 
of inverter, case 5 


Case 6. DC voltage source 1000 Volts, voltage amplitude of inverter output 300 Volts, output frequency 30 


Hz and load impedance 10 + j 10 ohm. 


Simulation results for this case are consistent with those observed in the previous cases. Stable DC current 
and DC voltage are shown in Figure 25 and 26, and unity power factor as the result of in phase behavior of 
source current and voltage can be observed in Figure 27. The converter is also able to convert successfully 
311 Volts at 50 Hz at the rectifier to sinusoidal 300 Volts at 30 Hz at converter’s output in Figure 28. 
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Figure 25. DC current, case 6 


De vokage ~)) 





u 06 
ime (aet) 


0 0% 


Figure 26. DC voltage, case 6 


Int J Pow Elec & Dri Syst Vol. 10, No. 4, Dec 2019 : 1823 — 1832 


Int J Pow Elec & Dri Syst ISSN: 2088-8694 O 1831 


weft hpebaseeesedaoe ashes eee cece eee de eee dee ee Coe cheee ee adaae 





ent (4 
ent (7 


nd 10? AC Curren 


= 

E 

a 

i 

T 

z! 

4 

i 

z 

= 

T 

T | a 

= = 

I i ac EN aa aaa aa aaa = 

E È 

= a 

a E- 

E, | = 

G “fi | cece p E ad ọ 
» 
ay 
E 


AC w 
1 
a, 








Figure 27. Amplitude voltage and current at input of Figure 28. Amplitude voltage and current at output 
rectifier, case 6 of inverter, case 6 


4. CONCLUSION 

This paper presents a proposed three-phase AC-AC converter using a capacitor as an energy storage 
element. A model of the proposed converter was developed which utilizes power factor control to ahieve 
close to unity power factor. The proposed converter model also includes PI controllers to keep the DC 
voltage stable. The proposed AC-AC converter was tested using simulation to produce inverter output 
voltages ranging from 120 Volts to 300 Volts with frequencies between 30 - 60 Hz. Simulation results of six 
different system scenarios further exhibit the ability of proposed converter in successfully changing the 
inverter output voltage at different frequencies and varying load. All of these were achieved by the proposed 
converter while maintaining unity power factor, stable DC voltage and DC current, and sinusoidal inverter 
output voltage waveform. 
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